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ARCHTECT 

MS15D, Inc. 

1776Pea c htiee Road 

Suite 180 North 

Atianta,Ga 30309 
Phone:(404)962-9680 

Fax (404) 92-9691 

LEASING AG BMT 

Genera IG ro wth Properties Inc 
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CODEBMFORCEMBMT 

CityofColumbus 

De p a rtme nt of C o mmunity De ve b p me nt 

Inspection a nd Code Enforcement De pa rtme nt Division 

10010th Avenue 

Columbus G A 31901-2718 

Bldg.Official: WilliamDuekj r. 

SeniorPlanExaminer: DannyCargill 

Phone:(706)653-4126 

BUILDING CODES 

CurrentMandatoryCodesasAdopted byGeorgia Departmentof Community Affairs 

SBCCISandard Building Code (International Building Code), 2000 Edition, with Georgia Amendments 
(2002,2003,2004,2005 a nd 2006) 

SBC C19a nd a rd G a sC od e (Inte ma tio na 1 Fue 1G a sC od e), 2000 Ed itb n, with G eo rg ia A me nd me nts (2001, 
2002,2003and 2005) 

SBCCI Standard Mec ha nicalCode (International Mechanical Code), 2000 Edition, with Georgia 

Amendments(2001,204a nd 2005) 

SBCCISandard Plumbing Code (InternationalPlumbing Code),2000Edition,withGeorgia 

A me nd me nts (2001,2002,2003,2004,2005 a nd 2006) 

Na tio na 1 Electric a 1 Code, 2005 Ed itio n, with G eorg ia Amend ments(2006) 

Internationa 1 Fire Code, 2003 Edition, with Georg ia Amend me nts (2005) 

Inte ma tio na 1 Ene rg y C o nse rva tio n C od e, 2000 Ed itio n, w ith G eo rg ia A me nd me nts (2003,2005 & 2006) 

"IheGeorgia Sate Fire MarshaI'sOfficecurrentmandatorycodesand standards: 

N FPA101 Life Sa fety C o d e, 2000 e d itio n 

NFPA13,2002 edition 

Interna tio nalFireCode, 2003 ed itio n 

Georgia SateADACoordinatofsOffice: 

Georgia AccesabilityCode 

FOWBICOMFANY 

Georgia PowerCompany 

Post Office Box 1220 (31993) 

1112 Fourth Avenue 

Columbus Georgia 31902 

Main Phone: (706) 649-3400 

Eugene Me Neil, Marketing Representative (706)576-3553 

GASCOMFANY 

AtmosEnergy 

2300Victory Drive 

Columbus Georgia 31902-1718 
(888)824-3434 
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PIANSAPPROVAL 


DRAWING SAND SPEC IHC AHO NS 

LANDLORD'S LEASE REQUIREMENTS 
LANDLORD'S APPROVAL 


Itisthe intentofthe landlord thnoughthe design parametersincorporated into this 
Tena ntMa nua I to motivate theTena nta nd/ortena ntsa re hiteetto produce innovative 
designsexhibiting the higheststandardsofreta il store design and construction. 

Drawingsand spec ificationssha II be prepared bya licensed Architect registered in the 
State of Georgia a nd sha IIbea rthe developerisna me, na me oftena nt, store number 
and the Arc hitect'sregistratbnseal(embossed),numberand signature. 


Applicableassetforthlnthe Lease Agreementandascontained herein. 

Tena nt sha II submitto the Land lord 'sTenantCoordinatorthree (3) setsof preliminary 
printswhich sha II include the following asa minimum: 

1 Key Plan showing location of Demised Premiseswitbinthe shopping center. 

2 FloorPlan locating allpartitions doors* store fixtures plumbing fixturesand 
otherconstructbn. 

3 Elevationorstorefront, including intended signage. 

4 Id e ntific a tio n of a II su rfa c e ma te ria Isa nd fin ishes 

5 Location and qua ntityof all itemsrequired to penetrate curbed roofopenings 

6 Description of HVAC systems including the majoritemsofequipment,the air 
d istrib utio n s/ste m, the c o ntio I s/ste m a nd the c o nd e nsa te d isposa I syste m. 

7. Lighting plan and description offixtures 

8 Locationofelectricaland telephone panels 

9 Reflected ceiling plans 
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LANDLORD'S APPROVAL 10. Descriptbnofanyspecialfeaturesnotadequatelydescribed bytheabove. 

(continued) 

Following submission and appro valofthe preliminary plans* the Tenantsha II submit 
to the Land lords Tenant Coordinators sets of completed construction 
documentscontaining all ofthe information required forthe preliminary plans, as 
wellasthefollowing information: 

1 Completedetailed dimensions 

2. C o mp lete d eta il d ra w ing sof a II e le me nts inc lud ing the sto ra g e/ me rc a ntile 

area,fire separationsand fixture layout. 

3 Spec ifica tionsdesc rib ing a II materia Isa nd work, inc lud ing the statementthata II 
workc o mp lieswith a II c od esa nd o rd ina nc es 

4 Reflec ted c e iling p la n loc a ting a II lig hting, e me rg e nc y lig hting and exit sig ns a ir 
condition ing, fire protection devices including sprinkler head sand allother 
materiaIsto be incorporated intheceiling. 

5. Complete description ofstructuraIsupportforalltenantitemsrequiiing such 

support, including load information on aIIsuch items 

6 Complete MEPdrawing setsigned &sealed bya licensed engineerincluding all 
required bad calculations 

7. A complete electrical plan with the following information must be submitted, 

with a c o mp lete d e9C riptio n of a II e lec trie a I eq u ip me nt, d istrib uted s/ste msa nd 
bads including riserdiagrams 

a. Elec trie a I fixtu res o utletsa nd eq uip me nt loc a tio ns 

b. Sng le-line d ia g ra ms 

c. Fina Ifixture sc hedule. 

d. Panelbads 

8 A compbtedescriptionofallFleating, Ventilating a ndAirConditbning equipment 

and related systems including but not limited to the following: 
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LANDLORD'S APPROVAL 
(continued) 


a. Equipmentcapacities(heating and cooling), 
b Equipmentefficiencies(heating and cooling), 

c Airdistribution systems 

d Exhausts/stems 

e Control system, 

f Condensatediqaosalsy'dem. 

YourHVAC submitta I must inc lude completed pla nsa nd spec ificatbns 
indicating: 

a Design c riteria (indoorand outdoor), 

b Load calculations 

9 A complete description of the plumbing system including provisionswithinthe 
sa me to a c c e pttbe c o nd e nsa te fro m tbe UVAC 9y^te ms 

10. Distribution and magnitude of a II dead and live load simposed bylenant 
c o nstruc tio n o n M a II c o nstruc tio n. 

11. Interiorfinish schedule with flame spread ratings percode requirements 

12. Colorchipsand samplesofstorefrontmaterials(finishes),fimnlyaffixed to 81/2” 
X11"illustration board and labeled. Where patterned samplesare submitted,a 
large enough sample oftbe mate rial mustbe submitted to indicate the pattern 
a nd the ra nge of colorofthe materia I. 

13. Doorsc hedule, inc lud ing doorha rd wa re a nd fire ratings 

14. Name ofTenant representative and/orconstiuctbn representative orcontact 

15. Estimated earliestdate to begin Tenant sc onstiuc tio n work. 

16 Estimated time required to complete Tenant sconstruction work. 

17. Key plan indicating locationand space numberofthe Premisesinthe Mall. 
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LANDLORD'S APPROVAL 

(continued) ajbmitplansto: 

Genera IG rowtb Properties 
110 No rtbWacker Drive 
Chicago, IL60606 
Phone:312-960-5000 
Fa x 312-960-5064 

In addition to submitting plansand specific a tionsto the Landlord, itsha lla Iso be the 
"lenantisresponsibilitytocomplywitballapplicablerequirementsofalllocalgoveming 
codesand to obtain a II necessary permitsth rough the submission of plansand 
spec ificationsto tbe C ityof ColumbusDepa rtmentof Pla nning a nd Development. 

The submission of plansand spec ificationsto the Department of Planning and 
Developmentshallonlybeafterconecting allerrorsand omissionsand incorporating 
tbe Ira ndbrd'scommentsAnyapprovalorconsa ntbylrand lord shaIIin no wayobligate 
Landlord in a nymannerwhatsoeverinrespectto the finished productdesign and/or 
construction byTenant.AnydeficiencyindesignorconstructionaIthoughsame 
had priorapprovalof Ira nd lord shallbe solelythe responsibility ofthe Tenant. All 
materia Isand equipmentfumished byTenant shall be newand allworkshallbe 
done in a first-classworkmanlike manner. 
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DESIGN CRTTERIA 


GBSIBtAL 

The existing M a II isind ic a ted a ssuc h o n the Lea se Pla n. Re no va tio n of the M a II c o nc o u rse 
tena ntsign ba ndsa nd neutra 1 piershasbeen provided bythe La nd lord asshown In the 
c o nstruc tio n d ra w ing sfo rthe ma II re no va tio n. It is inte nd ed tha t the c o nstruc tion of 
ea c h store in the existing ma II should ma inta in the hig h sta nda rdsrequired forthe ma II 
re no va tio n. To th ise nd, te na nts p ro vid ing re no va tio n wo rk in the existing ma II sha II fo lb w 
the sa me storefront a nd sign c riteria forthe new M a II construction. Where shown on the 
Lea se Pla n, Te na nt sto refro ntsin the existing ma II ma y be exte nd ed to the' pe rmissib le 
sto refro nt line a s illustra te d by the typ ic a 1 sto refro nt c ro ss sec tio n. Due to the va rying 
conditionsto be encountered in the existing Tena ntspaceseachTenantunderta king 
renovations must make thorough inspectionsofthe Demised Premises prior to 
submitting preliminarydesigndrawingstothe Landlord. 

FLDO R SLAB (Addition) 

Tenant, at Tenant's sole costand expense, sha II provide the concrete floorslab In 
Tenant's Demised Premises All new slab on grade concrete sha II be minimum 4" 
thick, 3,000 PSI 28-day reinforced with 6x6W2.9/W2.9 WWFat mid-depth and 
shall Include a six mil visqueen vaporretarder. A minimum 4"porousfill base of 
crushed gravel orwashed pea gravelshallbe provided bythe Tenant. (Saw cut 
construction joints 1" deep with maximum modularspacing of 25' x25'.) On new 
slab construction, it sha II be the Tenant's responsibility to properly match the 
elevation ofthe Mallslab,orshould there bea difference in elevations, the Tenant 
will be responsible for making the propertransition between elevationsina safe 
mannerso asnotto create any hazards. The Tenant sha II be responsible forsoil 
treatment beneath slab and sha II furnish the Landlord with a 5-yea rtermite bond 
upon completion ofthe treatment. Asindicated on the Tenant Package details, a 
portionofthe slab a dja cent to the lease line hasbeen provided bythe Landlord in 
some instances. Tenant sha II be responsible forconfirming actualcondition at 
Tena nt'sindividual location. 

FIDORSLAB (Existing) 

The floor of the existing ma II consists of a 4" cone rete sla b with 6x6 #10 W.M. over 
vaporbarrierover4"porousfill. The Tenant sha II indie ate ontenantdrawingsany 
proposed cutting orpenetrationsofthe slab. All patching ofthe slab will be in 
a c c o rd a nc e w ith the a b o ve spec ific a tio ns 
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COLUMNS 



Tenant'sspace shall have unpainted structural steel shapesand Tenant maynot 
finish orcoverthe same without La nd lo rd's prior written appruvaland all such 
covering materia Issha II be suffic ientlyfire reta rd a nt to comply with the requirements 
of the La nd lord, the loc a 1 build ing a nd fire de pa rtment c od es> the Na tio na 1 Boa rd of 
Fire Underw liters and the insurance companiesinsuring the Demised Premises 
(and the building ofwhichthe Demised Premisesforma part)againstfire. It should 
be noted with respeettheretothatthe demising wa llcolumnsmaybethickerthan 
the demising wallsand may project slightly into Tenant'sarea. 

ROOF PENETRATIONS 

RoofstructureoverTenant'sspacesha llconsistofstructuralsteelframing,barjoists 
dec king, insulation and built-up roofing. All required penetrationsofthe roofing 
s/stem must be c lea riy shown onlena nfsprelimina ry pla nsa nd spec ificationsa nd 
approved bylandbrd.Allsuchpenetrationswillbemadebythelandlord'sroofing 
contractoratthelenantssole costand expense, and will include asa minimum one air 
cond itbnerc urb with tempora rycoverpa id forin ad va nee. 

EXTERIOR WALLS 

In p reviously unlea sed spa c e the exteriorwa llsofthe sheII c o nstruction will be left 
exposed insidethe "lenantarea.These wallswill be finished byTenant a tenant's 
expense a sapp roved by the Landlord and will include the furnishing and installation 
ofR-llfiberglassinsulationbattsfiomfloorto roofdeckbythe Tenant. 

Te na nt sha II not p e netra te exte rio rwa lls w itho ut la nd lo rd' s p rio re o nse nt. Whe re 
servicedoorsexist,tenantwillbe required to repairorreplaceanydamaged doors 
fra mes o r ha rd wa re a tte na nt 1 sexpe nse. Re p la c e me nt ma te ria Issha II be eq ua 1 to o r 
exceed the qeec ificatbnsforthe existing door, fra me a nd ha rd wa re. 

INTERIOR WALLS 

landlord providesmetalstudsatthetenantdemising wallsin previously unleased 
qeace.TenantqDacesprevbuslyleased will have gyp board taped and bedded againi 
the roof dec kTena ntswill be required to repa ira nd/orreplace the existing gypboa rd 
in o rd e rto ma inta in a o ne-ho urfire se pa ra tio n betwee n te na nts 
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INTERIOR WALLS 
(continued) 


STO REFRO NTAND 9G NS 


STD REFRO NTC RITERIA 


New demising workwillconsistof5/8"fire resistantgyp board taped and bedded 
airtightaga insttbe roof d ec k "Ibe rea rsid e of tbe Va la nc e/ bulkhea d wa II be ated 
between tbe neutra I pierssha II be covered with one layerof a irtig ht 5/8"gyp boa rd by 
tbe tena nt up to tbe roof dec k Any required repa irsto the bulkhea d sha II be atthe 
sale costa nd expense oftheTenant 

The dividing line betweenTenantspacesmayormaynotcoincide with column 
centerlines All treatments, finishesand furring desired byTenant related to 
those columnsoccurring ondividing linesand insidethe Demised Premisesshall 
be performed byTenant in strict compliance with the Building and Fire Protection 
code requirements, aswellasthe requirementsofthe National Board of Fire 
Underwriters and the insurance companiesinsuring the Demised Premises(and 
the building ofwhichthe demised premisesisa part) in the building ofwhich it is 
a partagainstfire. 


Landlord shall leave the storefront a rea open between the neutra I piersatTenant's 
c ommon d ivid ing pa rtitionsa nd from the M a IIfinish floorto the undersid e ofthe neutra I 
band.lnaccordancewiththeapp roved wo rking d ra wing sa nd spec ific a tio nssub mitted 
bylena nta nd a pproved by La nd brd ,"lena ntsha IlconSructa nd c ompbte the storefront 
to the full storefront opening height and Tena ntsha II be required to make suitable 
attac hmentortermination of construction ofthe storefront to the soffit provided a nd 
properclosure thereof aga inst neutra I stripsasindic ated in details in the Landlords 
construction dra wings Said storefront sha llbestructurallyindependentftom Land lord's 
b ulkhea d. ~le na nt must refe rto La nd lo rd' sc o nstruc tio n d ra wing sfo rtyp ic a I ne utra I p ie r 
deta ilsa nd be atbnsof a ny'qaec ia I' neutra I pierswhic h may affeetthe size ofthe Tena nt s 
storefront. 


The requirementssetforth herein represent minimum sta nda rdsfordesign, construction 
and finish ofthetenantstonefrontsTheTenant'sworkshallbe subjeetto both the 
fo llo wing req uire me ntsa nd spec ific a tio ns a nd those c o nta ined in the lea se a g ree me nt 
Food Courttenantsshoub refertothe'DesignCriteria - Food Court'sectionofthisTenant 
M a nua I fo ra d d itio na I req uire me nts 
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STO REFRO NTC RITERIA 
(continued) 


1 Storefront construction shall extend fromthefloorslabtothe underside of the 

neutralband 14'-6" above finish floor, and shall extend horizontally to the neutral 
piersateac h side of the Demised Premises No portion ofthe tena nt storefront 
shall project beyond the tenant lease line with the exception ofthe storefront 
ag n, whie h ma y p rojecta ma ximum of 5" beyo nd the fa c e ofthe sig n ba nd. 

2. Stonefrontsshallbe designed, fa brie a ted and installed bytheTenantat 
Tena nt'sexpense. The Tena nt'sstorefront a tea sha II inc lude a minimum of 
80%o p e n o rg la ss a nea. AII sto ref ro nt g la ss must b e te m p e red. 

3. Sto refront opening heightsshallbe no lesstha n 8' -O" above finish floor. 

4 Swing ing d oo rssha II not p rojec t beyo nd the te na nt lea se line. 

5 Thresholdsordoortrackssha II maintain a flush elevation with the Landlord's 

Ma llfloor, a nd a ny nec essa ry rec esang ofthe tra c ksha II be insta lied in a ma nner 
thatwillnotdamagethe Mallfloor. 

6 The following materia Isa re prohibited on the storefronts 
a Simulated versionsof brick, stone, orwood. 

b Plastic la minatesotherthan solid colors (Allplastic laminate must be on 
pa rtic le boa rd orsimila rsubstrate.) Plastic la minatesa re a llowed only with 
La nd b rd s p rio ra p p rova I. 

c Peg boa rdwa lisa nd peg board fixturing ^sterns 

d Vinylwallcoveringorwallpaper. 

e Corkorcorktile. 

f Painted gypsum board storefronts 

7. AII Tenant storefronts sha II be structurally independent, and shall not be 

su^endedfiomthe La ndlord'sneutralband, mall soffit, roofiructu re,ora ttached 
to the meta I roof dec k However, brae ing to the La nd lord 'sstructure ispermitted. 

8 Storeffontssha II be c onstructed of none ombustible materia Is exc ept where fire 

resistanttreated materia Isa re permitted asapproved byj urisdictiona I authorities 
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S1DREFRONTC RTTERIA 

(continued) 9 "IheTenantisrequired to extend the Mallfloorfinish materia I from the lease line 

tothestorefrontclosure line. Extension of the Mallfloorfinish materia Issha II be 
coordinated bylenantthroughLandbrd'sTenantCoordinator. 

SIGN CRITERIA 

ForMallTenantsotherthanFood CourtTenantsthesignarea and placementofsigns 

within the sign area sha II be integrated withthestorefrontdesign. Food Court Tenants 

should refertothe "DesignCriteria -Food Court"sectionofthisTenantManualfor 

a d d itio na I req u ire me nts 

1 EachTenantisrequiredtodesign, fabricate, inSalland maintain a sign a tenant's 
expense, a nd must ha ve La nd lord 'sa p p ro va Lie na nt sha II o nly be a llo wed o ne 
So retro ntsign unlessotherwise agreed to byLandbrd. All signsmustbe approved 
in writing bythe Land lord with respectto design and placementpriorto Tenant 
beginning itswork. 

2 Sgning shaIIbe limited to trading name and logoonly. 

3 No animated components flashing lights formed plastic, injection molded plastic 
orbox-type signsa re permitted. 

4 Solid panel signssha II not be permitted. 

5. Metal lettersmustbe a minimum of sixinchesin height (for lowercase) and 
mustnotbe lessthanone inchnormore than five inches in depth, measured 
fro m the fa c e of the sig n ba nd. 

6 Internally illuminated channelletterswithopaque metalsidesand plastic face 
sha II be approved at Land lord 'sdisc ration. Illumination within letter5is3200°K- 
3700°Kneon. Letterretumsareto be finished to match the sign cobra sselected 
bythelenantorasapproved bythe Landlord. 

7. Exposed neon signage shaIIbe permitted asapproved byLandlord. 

8 Sgnsattached perpendicularly to the storefiontshallnotbe permitted. 
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SIGN CRITERIA 
(continued) 


SEPVIC E DOORS (EXTERIOR) 


SEPVIC E DOORS (INTERIOR) 


9 Sign shall be attached pa ra lie I to the storefront. Signsshall notextend 
pe rpe nd ic ula rly fro m fa c e of sg n ba nd. 

10. The extentofthe combined lettersand logossha II not exceed 75%ofthe 
storefront width. 

11 All lighted signsshaII be ULapproved. 

12. No signsshallbe permitted onthe exteriorofthe building unlessspecifically 
agreed to in the Tenant-Land lord lea se a g ree me nt. If permitted, exteriorsig ns 
shall not exceed 24" in height, shall be located no mo re than 12'-0" above finish 
floorand no lessthan 10'-0' above finish floor. Colo rof exteriorsig nssha II be 
white, unlessapproved otherwise by Land lord. 


Inpreviouslyunleased space,Land lord willfumishand installa 3'-0''x7'-0"servicedoor 
(ha rd wa re Inc lud ed) a tie na nt 1 sexp e nse. The La nd lo rd w ill c ha rg e the te na nt a tota I of 
$850.00 perexteriorservice door. In previously leased store space, itwill be Tenant's 
responsibilityto repa irorreplace the existing doora nd/orha rd wa re atthe d irection of 
the Landlord. 


Tenantshallfumishand installa 3'-0''x7'-0" 60-minute fire-rated hollow metal service 
door(with hardware) and hollow metalframewitha 2' headerinthe wall connecting 
the Demised Premisesto a nyadjoining service corridoils) where required bycodesand/ 
orgoveming authorities Servicedoorsshallbeofequalqualityasthose provided by 
the La nd lord in exteriorwa lls a nd sha II be atlena ntssole c osta nd expense. The doorfs) 
a nd ha rd wa re sha II be in complia nee with a llcodesa nd governing a uthoritiesa nd sha II 
be forexit purposes The doorsha II be insta lied to swing in a n outwa rd d irection towa rd 
the service corridor. Placedoorin recessed pocketso swing doesnotblockcorridors 
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CBUNGS 


1. Landlord will provide a minimum clearance of 12feetin heightfromthe 
cone rete sla b to the top of the Demised Premises, unlessotherwise shown 
in the Mall drawings. Tenant shall, at Tenant's sole costand expense, 
constructa finished ceiling having a heightofnogreaterthan 12feetabove 
the finished Mall floor. Ceilings must comply with a II codes, ordinances and 
governing authorities Land lord'sstructure isdesigned forsupportofa typical 
lay-in type ceiling system. Any ceiling system deviation should be reviewed 
by Land lord's stmetura I engineer and approved in writing. 

2 Should theTenantelectto installa gypsum board ceiling orotherinaccessible 
c eiling s/ie ms the Tena ntsha II inda II, atTena ntssale coia nd expense, a n a c c ess 
panelsothatalllenantand Mallequipment utilities dampers etc. are accessible 
and serviceable. 

3. Tena ntsha II underno circumstance place ora How exposed wood framing or 

bloc king a bove the finish c eiling. All c eiling materia I must c omply with the 
building codesfire protection codesand requirementsofthe National Board 
of Fire Underwriters and be approved bythe Landlord. 


MEZZANINES 

Mezzaninesshallnotbe allowed unlessapproved in writing in advance bythe 
Landlord. 

RRE EXTINGUISHERS 


Tena ntsha II provide fire extinguisherswitbinthe Demised Premisesto comply with the 
bcalfire code. (See Standard Fire Code #603.3.) InstallationsshaIIbe in compliance with 
NFPA #10fo rloc a tbn, travel and type of extinguisher. 

LAN DUD RD CONSTRUCTION CHARGES 


Tenantand/orTenantcontractorswillbe required to payforaIILandlord provided items 
inadvance before construction maycommence. 

1. TemporarypowerforTenant'sworkwillbe available and Tenantscontractor 
will pay $.75/sf or$750.00, whic heveris areater .commenc ing the date Tena nt 
beginsconstruction. 
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LANDLORD CONSTRUCTION CHARGES 
(continued) 


2 Tra sh re mo va I sha II be the resp o nsib ility ofle na ntsG e ne ra IC o ntia c to r 

3 See a to "C hec k-ln Procedure” a nd "Insura nee Requirements intbisdocument 

4. The following appliesto tenantspacesinthe existing malland in the new 
expansionaftergrand opening.The Landlord mayprovidefortenant'suse 
during construction of tenant's work a full heighttemporary barricade atthe 
storefront lease line. Such barricade shall be furnished and installed by 
Land lord. Tenant shall reimburse Landlord forthe use of said barricade and 
a mo u nt of $55 p e r line a rfo ot of te na nt's sto ref no nt b a nic a d e a re a. 
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DESIGNCRTTEHA 

FOODCOUKT 


DESIGN CRITERIA 
(TOODCOURO 

SIGN CRITERIA 


SIOREFRONTCONTROLAREA 


Food Court Tenants referred to in this brochure shall be Tenants No. F2, F3, F4, 
F5, F6, F7, F8, F9, FIO, Fll and ID. 


All sign criteria aslisted inthisdocumentshallapplyto Food CourtTenantsThe Food 
Courtlenantsha II be required to remove the existing canopyasindicated on the Food 
Court storefrontdrawing inthisdocument."lhe sign band which Food Court Tenants 
mustuseoccurs8'-0" above the Mallfinishfloorand extendsto 12'-6"above finish floor. 
In no eventsha lithe Tena ntsig n oc c uroutside of thisa rea without La nd lord 'spriorwritten 
approval 

1 Menu board signsmust be located only within a reaswhic ha re designated as 
sue h a lo ng the b ulkhea d a tthe C o ntio I Line. 

2. Menu board proposalssha II be submitted to the La nd lord bytheTenantin 
submission pac kage a nd a re subjeetto La nd lord a pprova I. 


1 Ceilings 

The ceiling height in the a rea between the Lease Line a nd the Control Line sha II 
be 12'-0" a bove finish floor, e>c eptoverthe 9ervic e c ountera sind ic ated. 

2 Walls 

a The interiorwa IIatthe Control Line (9'-0" minimum behind Lease Line) 
shallbeeithera bulkhead 7 -0” minimum a bove the finish floorora closed 
wa II,floorto ceiling, with openingsasrequired to the food preparation 
aiea. 
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STD REFRONTCONTROL AREA 
(continued) 


b Demised wallstotbe bulkhead (control line) sha II be finished with 
glazed tile from the floorto 12'-0" a bove finish floorand painted 
gypsum board above, in cobrsa sap proved by the Landlord. 

c. Tenantswho do notclosetheirservice areasatthe DesignControl 
Line mustcontinue demising walland floorfinishesto closure wall. 

d. C ooking exha ust hoodsa long the frontfa c e of the wa II atthe C ontrol 
Line a re subject to the a pprova I of jurisd ictiona I a uthorities Exha ust 
hoodslocated along the rearsideofthe menu board wa Hare 
recommended. 

3 MillwoiVCounter^Fixtures 

a Frontcountersa re required ata II Food Courtlena ntsto ma inta in a 

c o nsiste nt d esig n the me. 

b. Frontcountersshallbea minimum of 3'-0", a maximum of 3'-6" in 
height, and a minimum at2'-0" indepth.Counterfrontsshallbe 
furnished byTenantand sha II be subjectto a pprova I by the Landlord. 

c Fro nt c ounterfa c ing sha II be a ha rd surfa c e ma teria I sue h a sc e ra mic tile, 

plastic laminate,bra^orotherqualitymetal.Wood isnotacceptable. 

d. Countertop finish materia I sha II be byTenantand shallbe either 
solid colorplastic laminate, Co rian, tile, or stain less steel. 

e. Tenant'sspaceswhichdo nothave directaccessto the exteriorora 
service corridor sha II inc lude anaccessdoorin the counterdesign. 
Otherwise, no accessdoorsbetweentheTenantspacesand the Food 
Courtwillbe permitted. 

f Tenantssha II install and maintaindrychemicalorotherextinguishing 

devicesap proved by the fire insurance rating organization and the local 
fire department 
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STD REFRO NTCO NIRO L AREA 
(continued) 


RNISH CRITERIA 


4 Overhead Rolling Grille: 

a Eachlena nt ha sthe option to provide an overhead rolling g rille 

cbsure. 

b Overhead rollinggrillesshallbebyCooksoaDesignG 5014c lea ra nod ized 
finished g rille, bottom ba ra nd be kora pproved equa I. 

c Grillesmust be supported independentlyofLandlord'sbasic building 

structure. 

d Overhead rollinggrillesshallbelocatedasindicated. 


Tenantshallprovideallfinisheswithinthe Demised Premisesand visible to the public 

according to the following restrictions 

1 Ac c e pta b le finish ma te ria Isfo rwa lisa nd pa rtitionsinc lud e white c era mic tile, 
qaecialtyglazed tile, porcelain panelsglaaad brick, painted steel,sold core plastic 
la minates, sta inless steel, ortempened g lass Artific ia I materia Isintended to 
simulate wood, stone, brie k, ortile a re notaccepta ble. 

2 Acceptablefinishesforequipmentsuchascabinetscounterfacesand Fronts 
(exc e ptthe pub lb sb e of ma in sarvic e c ounter), d iqa la y c a sas c a sh reg iste is a: a les 
cooking equipment, etc., inc lude a lithe finishesa llowed in item la bove. 

3 Acceptable ceiling finishesinclude painted gypsum board and others/stemswith 
c o nc ea led sp ine o rc one ea led ha ng ing syie mswhb hcanbeea sly wa shed. 

4. Menu boa rd sha II be a maximum of 3'-0" in height. Design of menu boa rd shall 
be subjectto the La nd lo rd' sa p p rova I. 

5 AII floors within the Demised Premisesshallbetile.AreasoftheTenantspace 

visible from the Food Court sha II be ha rd tile, cob rasa p proved by La nd brd. 
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FINISH C RTTER1A 
(continued) 

6 G enera 1 Note: Pa rticula rattention sha II be g iven to tbe visua lorga nization oftbe 

rearand side wallsofserving area. Equipmentcatalog cutsand layoutshallbe 
sub mitted fo ra p p ro va 1. 

COLORCRTTHtiA 

Within a norganized arc hitecturalfra meworkof Land lord bulkhead and neutralpiers 
the domina ntvisua 1 elementswill be tbe ind ividua 1 exc itementof the "lena ntspaces 
Rathertba n esta blish bind ing c riteria whic h would limitthe Tena nfscolorslection, it is 
the intent of the Landlord to provide guidelinesforan innovative design solution in 
keeping with tbe Tena nt'sretail signature. Live lycolors unique counterconfigurations> 
and tbe creative us of materia Isa re strong ly encouraged. 

1 Tenantstore interiorsshould be lively and engaging in color. No two adjacent 
vendorswillbe permitted to us predominantly white, beige, orotherlight neutral 
c o lo ra sthe ird o mina nt inte rio rc o lo r. 

2 EachTenant'sdesign will be reviewed in the context of previously reviewed 
adjacentstoreftontsand cobrs hemes 

LIGHTING 

1 Tena ntsha II provide a II lighting behind the Leas Line. AIIfixturesvisible to the 
public a re subjectto tbe La nd lord 'sa pprova 1. 

2 Fixturesusd forlighting oftbe menu board and countertopsshaIIbe controlled 
by dimmers 

SANITARY SEWER 

Resta ura ntlena ntsasdesig nated bytbe La nd lord, sha II insta llattena ntssle c osta nd 
expens a greas interceptorsized to fit itsneeds(l,000gal. minimum)."Ihe location of 
tbegreas interceptor sha II be approved inwriting byLandlord priorto installation. 
FoodCourtTenantsmuShookupalldoredishargestogreassinkprovided byLandbrd. 
All lines must be hotwaterflushed priorto us. 
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CODE ENFORCEMENT 


In addition to the Building Departmentand the Fire Marshal, one (1) setof plans 
shall be submitted to: 

ColumbusHealth Department 
ColumbusGeorgia 
Attention^ ell Gary 
Phone:(706)327-1541 

Note: Two (2) lull 9etsof p la ns inc lud ing a re hitec tura I, mec ha nic a I, a nd elec trie a I d ra wings 
sha II be submitted to the Build ing Depa rtmenta nd Fire Ma rsha Ifortheircommentsa nd 
approval. Only food establishmentsneed to submit plansto the ColumbusHealth 
Department. Forthese Tenants Health Depa rtmenta pprova I mustbe received priorto 
submitting to the Building Depa rtment. Allow approximately three weeksforHealth 
Department review. 
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UTILITIES 


KEATING, VENTILATING AND 
AIRCONDTHONING (HVAC) 


"le na nt; a tie na nt ss le c ost a nd expe ns, dia II p ro vid e a nd indta II a c o mp lete HVAC ^/de m 
in the De misd Pie miss a II in a c c o rd a nc e w ith p ro visio nsof the lea se. HVAC un itssha II 
beasmanufactuied byTrane,Camer,orYork. 

The Te na nt sha II d esig n a nd insta II a II wo rka nd/ o rs/ste mso rsub s/ste ms re la ted to tbe 
HVAC unit,and required bysa me to becompleteandfunctionalhevery respect; including 
b ut not lim ited to tbe a ird istrib utio n syste m, tbe p owe r wiring syste m,thecondensate 
disposal system, the heating system and the ventilation system. All said design and 
insta llation sha II be atTena nfssale c osta nd expens a nd sha II be in strictcomplia nee 
with manufacturehsinsta llation requirements 

The Te na nt 1 s HVAC c o ntia c to rsha II exte nd tbe c o nd e ns te d ra in fro m tbe stu b a tthe 
roof c urb opening a nd to tbe s nita ry swerline within the Demisd Premiss Tena nt 
shaIIprovide aIIrequired piping,fittings hangers insulation,etc. asrequired."The entire 
costofthe condenste d ispos Is/stem sha II be borne bythe Tena nt. 

The Landlord shall have the authority to reject any faulty orimproperornon- 
workmanlike installation. Alls id insta llationssha II be corrected atthe Tenant's 
sle costand expens. 

The La nd lord spec ifica llyd is llowsthe us of pitc h poc ketso nth isp reject Inthos events 
where roof penetrationsa re required forthe passge of powerwiring, control wiring, 
condenste d ra ins refrigera ntpiping, etc. a nd s id penetrationsca nnotbe confined within 
the HVAC curb, then and onlythen, sha lithe Landlord approve alternate methods Any 
sc h alternate method sha II in genera I require the insta llation of a pipe curb and shall 
be clearly defined bythe Tena ntsdrawingsand specifications 

"the La nd lord spec ifica llyd is llowsthe us of pipe rollersorsimila rde vices whic h a re 
potentiallyda imaging to the roofing materia Isorto the building structure,formoving 
HVAC unitsacrossthe roofsrface. 

The Tena ntsHVAC control s/stem sha II be designed forcontinuousfen operation during 
occupied hours The Tena ntsroomthermostatsha II notbe equipped with a fan"on- 
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I-MAC (contriued) 


auto"s/vitch which would permitintermittentfan operation butsha IIhave a "heat-off- 
cool" s/stem switc h only. 


Tenant's Elec trie HeatenTenant'selectricalheatermaybe built into the Tenant'sair 
conditioning unitormay be ofthe duct mounted type. In eithercase, the heatermust 
incorporate a II safetydevicesrequired bythe National Electric Code and allotherlocal 
codesand shall incorporate the necessaryinteriocksto preventoperation in the reheat 
made. 

O utsid e Ain The Te na nt sha II introd uc e outsid e a irfo rve ntila tio n p urposes into the 
Demised Premisesthrough the airconditioning unitonlyand then only in a tempered 
a nd filtered cond ition.The HVAC equipment sha II inc lude a ma nua loutside a irda mper 
and hood as9emblyca pa ble of delivering upto25%outsideair."lhe HVAC equipment 
may inc lude a 100%o utsid e airs/stem so designed and controlled asto provide free 
cooling undercerta inconditions 

Desig n C o nd itio ns- Hea ting ofthe Te na nt 1 s De mised Pre mises 
Inside Design Dry Bulb Temperature: 72° F 
0 utsid e Desig n Dry Bulb Tempera ture: 24° F 

Design Cond itio ns Coo ling ofthe TenantsDemised Premises 
Inside Design Dry Bulb Temperature: 76° F 
Inside Design Relative Humidity:50% 

Outside Design Dry Bulb Tempera ture:93°F 
0 utsid e Desig n Wet Bulb Te mpera ture: 76° F 

Design Conditions-Ventilating oftheTenantsDemised Premises 
Tota la ire irculated will be based on interna Isensible heatload atpeakrequirementsbut 
shallnotbe lessthancode requirementsorlessthan minimum a irrequirementsof the 
HVAC unit 

Tenant'ssystemssha II provide a minimum of 10%outside a irforventilation but not 
lessthanO.lCFM persqua re footof lease area and not lessthancode requirements 
should same be greater. 
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HVAC (confriued) 


Tenanfstoilet exhaust s/stem shall be designed and installed to meetrequirementsof 
allapplicable codes Onlymechanicalexhausts/stemsshallbe permitted.The landlord 
req uirestbe usa of a code a pproved ductiesstype, re-c ire ulatorta nkwitb a ba cteriosbatic, 
c hemica Ifilterin lieu of conventiona Ifa nswhic h require a roof penetration. All sue h roof 
penetrationsmust be accomplished by the Land lord atTenanfssole costand expense. 

Design Conditions-Building Factors 

"IT'Factorforthe roof assembly-. 1BTU/ HR-F(inc ludesno finish ceiling). 

"U" Factorforthe exteriorwa II assembly-.09 BIU/ HFI-SF-F(includes9-llbattsand 
interiorgypsum board provided and installed byTenant). 

Duetworkand AirDistiibution Devices AIITenantsductworksha II be designed,furnished 
and installed by TenantinstrictaccordancewithASHRAEGuidefla tested ition)andtbe 
SMAC NA Construction Sta nda rds(latestedition). Allductworksha IIbe sheetmetaI. 

Spec ia IM a ke-Up Ain Where spec ia I eq uipment sue h a siesta ura ntexha usts/stems etc. 
tend to create negative pressureswitbin the TenantsDemised Premises the Tenantsha II 
Himish ma ke-up a irin a q ua ntityequa Ito that being exha uied, exc ept where a pproved 
inwritingbyLandlord.Allductsfansfiltersco ntio Is etc. req uired to d e live rsa id ma ke- 
up airsha II be atthe Tenant ssole costand expenseand ina mannerapproved bythe 
Landlord. 

Relief Ain Where Tenant'sspace isnotodorproducing,excessairmaybe relieved 
directly into the Ma ILThiswill not re lease the Tenantfrom responsibility of providing 
tbe necessary mechanic a I exha ust as may be required byCode. 

Restaurant, Grill, orOdor Producing Area swill be as req uired byCode and as 
required to eliminate intrusion or infiltration of odors into the Mall, public a neasor 
otherTenant spaces Hoods, filter, fire protection equipmentand any equipment 
suchasexhaustfansand ductssha II be furnished and installed byTenantatTenant's 
sole Costand expense. Tenant must submita II information pertaining to thisSection 
atthe same time that it submitsitsPreliminary Plansforapprova I, and incomplete 
orsketchysubmittalsbyTenantshallautomaticallybe disapproved bythe Landlord. 
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I-MAC (contriued) 


Exha ustfanswillbe ofthe inte no rtypeorroot mounted type. If root mounted, they sha II 
be installed on a curb which isto be installed by the Land lord'sroofing contractoratthe 
sole costand expense ofthe Tenant. If interiortype, they sha II have properfybuiltand 
installed roofcapsapproved in writing bytheLandlord'sengineer.Wallcapswill notbe 
permitted. Where roof mounted equip me ntisused, framing isrequired whenanyofthe 
following conditbnsoccur 

The largestroofopening dimensbnsexceedslZ. 

"Ihe combined weight ofthe curb and equip mentexceedslOO lbs 

All such roof opening fra mesa re to be installed atthe sole costand expense ofthe 
Tenantand with the approval ofthe Landlord'sengineerwho shall be advised 
concerning the weightand sizeofallsuchequipment. 

All roof cutsand re pa irswill be performed bythe Land lord approved roofing contractor 
atthe TenantssolecoSand expens. 

Location of Equipment: AIITenantd componentswillbe located within ordirectly above 
the "le na nf sDe missd Pre misssa nd so inda lied a nd loc a ted a sto p ro vb e ea ss of re mo va I 
ormaintena nee.Tena ntsha llprovde adequate accesspanelsasrequired byLandbrd. 

Tena nfspiping will be in strictaccorda nc e with AS1NI a nd ASA sta nda rds 

Return Ain Tenant sha II design its HVAC system utilizing a ducted return air system. 
The space above the ceiling sha II not be used asa return air plenum unlessthe 
tenant has verified in writing to the Ownerthatno combustible materia Isa re exposed 
within the return airspace. 

Temperature ControlS/stemforlenant'sStore: Each ofthe respective Tena nfsDemised 
Premisessha II have itsown the rmo sta torthermo stats* depend ing on the numberof 
controlzoneswhichwillcontroltheHVAC equipmentoperation during regularbusiness 
hours 
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HMAC (confriued) 


WATER & SEWER SERVICE 
(Existing Tenant Spaces) 


WATER & SEWER SERVICE 
(Addition- NewTenant Spaces) 


Tena ntssha II ma inta in a minimum of 55 degreesfa renheittemperatune within the 
Tenant's Demised Pnemisesduring wintermonths Should the Tenant require any 
control devicessuch astime clocks, night set-backthermostats marktime a/v itches 
etc.to performthisfunction automatic ally, the Landlord strong lyrecommendsthat 
the Tena ntnegotiatedirectlywith the HVAC contractorforthe installation or re tain 
the servicesofa qualified control company forthe installation. In anycase,the 
systemshallbe installed in accordance with the manufacturer'sinstructionsand 
shall be subjectto the Landlord'sapproval. 

The Landlord requiresthat each Tenant retain the servicesofa qualified heating 
and airconditioning service company to perform routine preventive maintenance 
onthe rooftop airconditioning unitsand equipment. Failure to mainta in the unitsas 
recommended bytheequipmentmanufecturermayvoid the Tena ntsHVAC contractor's 
warranty. 

All powera nd c ontnol wiring, c ondensa ble d ra ins etc., sha II be routed through the 
roofcurb opening and in through pitch pans 


Existing tenantspacesa re provided with a n ind ividua lly metered waterstub a nd sa nita ry 
wa ste syste mstub.Tenantshallberesponsibleforcompletingalladditionalplumbing 
fiomLandbrd'sservicelocationsintoandthroughoutthe Demised Premisesincluding 
provisonsforcondensate disposal. Waterand sewers/iemswithinthe Demised Premiss 
sha II be installed byTenant. Tena ntsha II pay to Landlord itsproportionateshareofthe 
initial waterand seweravailabilityand/orimpactteesRestaurantlenantsmustprovide 
a grease interceptorsized to fit itsneeds(l,000gal. minimum) atTenanfssole costand 
expense.ThebcationofthegreaseinterceptorshallbeapprovedinwritingbyLandbrd 
priorto insta Nation. 


Landlord will pro vide a sanitary sewer line below grade within each tena ntspace (no 
Sub-up will be provided). The be atbn ofthisline within ea c h spa c e ma y va ry. The tena nt 
will be provided with the genera I location of the line. Tena ntsha II be responsible for 
completing a lla dd itiona I plumbing from La nd brd 'sservb e be ationsinto a nd throug hout 
the Demised Premisesincluding provisionsforcondensatedisposal. Allwaterand sewer 
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VWXTER&SEWER SERVICE 
(Existing Tenant Spaces) 
(continued) 


GASSBMCE 


TELEPHONE SERVICE 


ELECTRIC ALSEPVICE 


s/stemswithinthe Demised Premisesshallbe installed byTenant.Individual3/4"water 
stub shall be provided by land lord. Tena ntsha II arrange fora nd payformeter/regulator 
assembly inc lud ing tapping fees(to watercompa ny).Tenantsha II payto Land lord its 
proportionate share all the initialwaterand seweravailabilityand/orimpactfees 
RestaurantTenantsmust provide a grease interceptorsized to fit its needs (1,000 gal. 
minimum) atTenanfssele costand expense.Thelocatbnofthegreaseinterceptorsha II 
be approved in writing byLandlord priorto installation. 


Natura I gasservicesha ve been extended to the Ma II build ing a nd will be a va ila ble for 
Restaurant and Food CouitTenantuseonly.See'Geneiallnforrmation"forgasservice 
contact. The Tenant must arrange with the localgascompanyformeterinstallation. 
Tenanfsplumberwillbe responsible forrouting the gasline from meterbankatservice 
courtto Tena nrsqaace-Tena ntsha llcoordinateroutingofgasline with "lenantCoordina tor. 


The Landlord willanange with the telephone company servic ing theentire Shopping 
Centerto install telephone service to the telephone equipment rooms located as 
determined bythe La nd lord .Tena ntsha II a na nge with the telephone c ompa nyto bring 
such service from said service point into the Demised Premises and any and a II cost so 
incurred shall be borne byTenant. 


landlord shaIlprovideanelectricalservicegutter,277/480volt3phase4wire,and a tap 
fo r"le na nt 1 se lec trie a I se rvic e fo rthe De mised Pie mises la nd lo rd sha II p ro vid e a n e mpty 
conduitfromtheelectricalserviceguttertothe Demised Premises The empty conduit 
sha llbe sized to accommodate a copperconductorbasedona design bad of 20watts 
persqua re 1bot(of Demised Premises)connected bad.Anyincreaseabovethisconnected 
bad must be approved inwriting bylandlord.Anychangeintheconduitsizewillbeat 
"lenantssele costand expense, land lord shallfumisha mete rba se with conduc to isto 
the "line" side of meterbase. Tenant'sresponsibility will begin atthe "load" side ofthe 
meterbase,atwhichpointtheTenantshallftimishand installatTenantssolecostand 
expense, a n appropriately sized fused disconnects/vitch. Tena nfsworksha II include 
providing and installing theelectricalconductorfromtheelectricalserviceguttertothe 
Demised Premisesa nd the furnishing a nd insta lling ofthe metera nd a IIotherinc identa Is 
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ELECTRICAL SERVICE 
(continued) 


EM ERG BMC Y UG HUNG 


HRE PROTECTION / SPRINKLER 
SYSTEM 


andappurtenancesrequiredforconnpleteelectjicalserviceforthe Demised Premises 
"Ihepowerc ha racteristicsoftheelectiicalservice provided sha II be 277/480volt3phase, 
4wire,60cycle. Anelectrical wiring to and in the Demised Premisesandforthe lighting 
fixtu resto beplacedthereinshallbe insta lied by the "le na nt In a c c o rd a nc e w ith p ro viso ns 
ofthe lease, a II fluorescent lighting and all large powerequipmentsha II be served by 
277/480vo It s/stemand all incandescent lighting convenience outietsa nd sma II power 
equipmentsha IIbe served bya 120/208volt%stem.lt"lenantsneedsrequirea reduction 
ofvoltageto 120/208voltsystem,Tenantshallbe required to insta lla nd maintain the 
propertype tia nsformereq uipmentnec essa ry to red uc e the voIta ge to the 120/208volt 
9/stem. 

The Tena ntsha II provide a II wiring, d isc onnecting a nd sta rting devic esforthe UVAC units 
Anyadditionalcontiolsand interlocksoverand above typicalthermodatcontrolrequired 
by the "lena ntsha II be furnished a nd insta lied by the Tena nt, inc lud ing a II wiresreq uired 
by sa me. All wiring sha II complyfully with a lla pplic a ble c odesa nd sha II be insta lied in a 
profeaona la nd workma nlike ma nner.lena ntsha II be required to submita lithe nec essa ry 
information asto itselectric a I powerneedsto the La nd lord fora pprova I. 


Each Tena ntsha II provide emergency lighting in accordance with a II a pplic a ble 
codesin salesarea and stockrooms lea ding to emergency exits. All such light 
should be clearly marked onTenant'selectricalplans 


Landlord sha II provide a fire protection sprinkle rline into the Demised Premises Tenant 
shaIIcomplete aIIdistribution and appurtenanceswithinthe Demised Premisesat 
"lena ntssale costa nd expense."lena ntsfire qeiinklerc ontra ctordia II ma ke disconnection 
to the landbrd'sfire main by providing and installing victaulic connections Tenant must 
use Land lord' sap proved sprinklercontractorand conform to all insurance requirements 
with regard to design and installation ofthe fire protection sprinkler system within the 
Demised Premises Tena ntsha llpayforallsprinklerworkin the Demised Premisesthrough 
directcontiactwith Land lord'sap proved sprinklercontjactor. 
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CONSTRUCTION 


CHECK-IN PROCEDURE 


INSURANC E REQUIREMENTS 


Priortothe startofany work, Tenant contractors a re required to checkin with the 

Landlord'sConstruction Coordinator.The following itemsmustbe provided or 

acknowledged priortoanyworkcommencing: 

1 Present Building Permits approved and issued by the Building Department. 

2 Furnish properevidence of required Insura nee coverage. 

3 Signforand take possession of keysto service doorof Premises(ifany) and 
acknowledge properinstallationand opera tbnofsa id servicedoor. 

4 Furnishnamesand phone numbeis(office and home)ofTenant'scontractor J s 
supervisory personnel. 

5 Furnish na mesa nd phone numbersof prime subcontractors 

6. Acknowledge receiptof information concerning allconcealed piping, conduit, 
etc. that is installed below, within ora bove the Premises 

7. Ac knowledge receiptof a copyoftbese Construction Procedures 

8 Payfora II construction c ha rgesassetforth in tbe Lease Agreement. No workwill 
c o mme nc e p rio rto La nd lo rd' srec e ipt of mo niesfo rc o nstiue tio n c ha rg es 

9 Paytolrandbrd'sFtepresentative0enantCoordinator)asecuritydepo9tof$5,000, 
refundable uponacceptanceofcompleted workbyLandbrd. 


Tenantand/orTenant'scontractorand subcontractorsshallbe required to provide In 
additbntothe insurance required to be maintained byTenantpursuanttotbe lease,tbe 
following typesof insura nee a nd the following minimum a mounts na ming Ira nd lord 
and a nyotherpersonshaving an interest in tbe whole Shopping Centerasadditional 
insured astbeirinterestmayappear, issued bycompaniesapproved bytbe Landlord: 
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INSURANC E REQUIREMENTS 
(continued) 


WDRKAREA 


SBTVICECORRIDORS 


1 General liability coverage with limitsof $2,000,000 peroccura nee and in the 
aggregate. 

Additional insunedssha II include: 

• Peachtree Mall, LLC. 

• GGPLP, LLC. 

• GGPLimited Partnership 

• GeneralGrowth Management,Inc. 

• GeneralGrowth Properties, Inc. 

2. Workman'scompensationcoveragewiththefollowing limitsforthe employer's 
lia b ility c o ve ra g e the reu nd e ro r sta tuto ry limits: $500,000 ea c h a c c id e nt, 
$500,000 each disease, $5,000,000 policy limit on disease. 

3. Builder's Risk: Completed Value Fire and Extended Coverage covering 
da mage to the construction and improvementsto be made byTenantin 
amountsofatleastequalto the estimated completed costofsa id construction 
and improvements with lOOpercentcoinsurance protection. 

4. Automobile lia b ility cove rage with limitsof $2,000, OOOcombined single limit. 

5. Paymentand Performance bondsforlOOpercentofthe valueofworkto be 
accomplished.Allbondsshallbedualormultipleobligesbondsinuiingtothe 
benefit of Land lord, Tenant, and other personsas Land lord shall require. 

Cancellation Clause: 30day notice 

Originalorduplicate policiesforaIIthe foregoing insurance shallbe delivered to 
the Landlord beforeTenant'sworkisstarted and before anycontractor'sequipment 
is moved on to any part of the whole Shopping Center. In a II other respects, the 
insura nee coverage above-mentioned shall comply with the provisionsofthe lease. 
Insurance carriers shall give a Best's rating of A-VII or better, and shallbe 
registered orauthorized to do business in Georgia. 

Alloflena nt sc ontrac tor's work, storage of mate rials construction office and other 
lunctionsmustbe confined to within the Demised Premises exceptfon 
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TRASH REMOVAL 

1. Construction of the M a II side ofthe storefront. 

2. Worknequired inspacesaboveorbelowthe Demised Premises 

Service corridorssha II be kept c lea rof materia Is, equipment, debris, and trash at 
all times, if necessary, the Landlord will c lea rservice corridorsofanyand all 
such itemsand charge the Tenant. 

USE OF MALL 

Contiactorsa nd/orsubc ontiactorspa rtic ipating In the "lena ntisworksha II be required 
tomoveanddiqDOseof,atleastoncea weekand moreftequentlyasLandlord may 
direct,alldebrisand rubbishcaused by,orresultingfTomtheworkand upon 
completion, to remove a lltempora rystractures surplusmaterra Is debrisand rubbish 
ofwhateverkind iema ining on a ny pa rtofthe whole Shopping Centerorin proximity 
thereto whic h wasbroug ht in ore reated bythe performa nee ofTena ntiswork. Ifata ny 
time"lenanfscontiactorsand subcontractorrsshaIIneglect, refuse, orfailto remove 

PROTECTION OFVVORK 

AND PROPERTY 

any debris rubbish, surplusmaterialsortemporarystructureswithin 24hoursafter 
writte n notic e to "le na nt. La nd b rd ma y re mo ve sa me a tie na nti sexp e nse. Te na nt/ 
"lenantisGeneralContractorsha llberesponsiblefortrash containers 

PARKING 

Ac c essto the M a II isnota llowed. At no time sha lithe M a II be used bythe Tena ntis 
contractororitsemployeesfora nyworkwhatsoever,orforlounging, eating, rest 
breaks etc. "IheTenantshallbe responsibleforseeingthatthisrule isstrictlyobserved 
byhiscontractor. 

SEFVICECOUKI5 

1e na nta nd Te na nti sc o ntra c to rsha II p rotec tthe irwo rkfro m d a ma g e a nd sha II p rotec t 
the workof otherlena ntsa ndLandbrdfromdamage bylena nt,"lena nti sc ontra ctor 
a nd theirempbyeesa nd subc ontractors 

Pa rking forconstruction personnel will be permitted only in a reasdesignated bythe 
Contraction ProjectMa nagerorthe "lena ntCoordinator. Designated parkingareasare 
subjeetto change and a II personnel using these area swill pa rkasdirected bythe ^ 
C o nsbuc tio n Projec t M a na g ero rle na ntC oo rd ina to r. 


Peachtree Mall 
Tenant Storefront Criteria 
for the In-Une Tenants 


Neutral P«urto 



Pop-out Element 


ITNWt 


NAM I 

4 


Signage proportional 
to Storefront 

Awning Element 


Tenant Leaselirse, 

'if Typ. 


Glazing Signage 
is encouraged 


- 

When possible, 
install S/4 H Aluminum 
Reveal at Lease line, Typ. 


Varies 


W High Durable 
ELase NLneiflal 


remain it Landlord 

uilllbes an? 

present, field verify 


I . 


ELEVATION 

N.T.S 


VI-NiVNf 


SECTION A 


l\)6)aHUiaij<uai$ 





















































































Peachtree Mall 

Tenant Storefront Criteria 
for the In-Line Tenants 


I 

i 
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Peachtree Mall 

Tenant Storefront Criteria 

for the Center Court, Anchor Courts and Transition Court 


Mall Bui khead, including gold medallions, 
may be removed at Storefront Pop-up. 
all else to remain See SECffCWfl for detail 


Storefront Pop-up, a portion of the 

overall storefront width, shou ld extend 

to the maximum venical height possible 
Signage proportional to Storefront 


When possible, 
install 3/4" 
Aluminum 
ReveaI at 
Leaseline, Typ. 

Glazing Signage 
is encouraged 

Tenant Leaseline 



Neutral Pier to 
remain if Landlord 
utilities are 
present, field verify 

12' High Durable 
Base Material 


Tenant Leaseline 


Line of 
Awning Above 


Swing Door Closure in Recessed Entry is strongly 
recommended,S-O" Door height Mln, r Doors shall not 
project past Line of Storefront Popup 




































































































Peachtree Mall 

Tenant Storefront Criteria 

for the Center Court, Anchor Courts and Transition Court 



Mall 

Bulkhead,. Typ. 


Where Storefront Pop-up 
intersects Mall Bulkhead, 
remove existing trim, dry wall & 
decorativegold medallions as 
shown. fHich back and match 
original finishes where 
nessesary 


Storefront 

Pop-up 

- Awning 
Element 


Landlord 
Neutral Pier, if rcq. 


Recessed 

Entry 



_I 


I 


■ SECTION A 

HJ.S 


Z-OT-O" 


■ SECTIONS 

NTS 


T 


■—4 F V,| J. 
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Peachtree Mall 
Tenant Storefront Criteria 
for the Parisian Concourse 


Wall Bulkhead 

Storefront 

Pop-out 


Signage proportional 


Entry Pop-up, a portion of the 
overall storefront width, should extend 
to the maximum vertical height possible 





£ 


CTi 

| Ir 4 
L3 


] 


Neutral Pier to 
remain if Landlord . 

utilities are * 
present field verify 


4 


4 
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4 


4 


4 




4 

d 

5 
b 

oa 

> 

1 

fu 

4 

4 

17 

1 ^ 

4 

4 







■ ELEVATION 

N-T.S 


SECTION A 


4 


SECTION B\ 


4 



m PLAN 

N.T.S 

Tenant Leaseline 

Line of Storefront 
Projection 


Line of Storefront 
Pop-out 

Awning Above 


h 


' KVAC Grills.Typ. 
(Field Verify 
locations, Tenant 
relocate vent if 
Entry Pop-up 
blocks air flow) 

Whenn* 
Landlord utilities 
,i r-pre-ent.insta I 
3/4" Aluminum 
Reveal at 
Leaseline, Typ. 




High Durable 
Base Material 



Swing Door Closure In Recessed 
Entry is strongly recommended, 

8MT Door height Min,Doors shall not 
project past Line of Storefront Pop out 


Tenant Lease! ine 
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Peachtree Mall 

Tenant Storefront Criteria 
for the Parisian Concourse 


.Mill 

Bulkhead, 

Typ. 


Storefront 

Pop'tHJt 



£ 

+u 

fl 

□; := 
£ 


Storefront — 
Popenjt 


m SECTION B 

N.T.S 


Storefront must 
return beck to 
meet Mall 
■Bulkhead Typ 

Entry Pop-u p 


Awn ing 
Element 


Recessed 

Entry 





■ SECTION A 

N.T.S 




Tenants shall comply withal! Criteria and 
requirements set forth in the general Mai! criteria 
manual except for the fallowing: 

- Numbers 6.. 8,10 & 11 of the Sign Criteria in 
the Design Criteria section of the general Mall 
criteria manual. 

- N umbers 1, 3, & 4 of the Storefront Criteria i n 
the Design Criteria section of the general Mall 
criteria manual. 



























Peachtree Mall 

Tenant Storefront Criteria 
for the Food Court 


5 


g-. 


1 


vo 

- 4 - 


'O 


i 1 


■L' 

g* 

§, 

■ ■*-. 

? 2 

it 

5 




i ■<}' 


^■6"/Mm.6' Min. ^ 





-Tenant Sign to be of 
an "Open Style" type, 
hung from above or supported 
from both sides 


■ ELEVATION 

N.T.S 


5FCTJOIVA 

Varies 


Id 





r 

1/ 


HVAC frills Typ. 
i V.l.F. for at tmal 
locations] 

Bulkhead.Typ. 


■ Tenant to remove existing 
awning and track 


- Tenant Signage 
Zone 

—■Tenant to remove 
existing Bulkhead 
froma'-cr up to i3'-o' 

Lease Line, Typ. 
—Tenant Counter 


'-Remove tile faun 

existing neutral plers.Typ, 


Extern of Tenant finishes 
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Peachtree Mall 

Tenant Storefront Criteria 
for the Food Court 


I 

■ 

I 


EulkheapTyp. 

Tenant to remove existing 
awning and track 


Tenant Signage - 

Tena nt to remove 
easting Sulkh-ead 
from S'-G' up to lff-G‘- 



! i 


Provide eschustion 
around tubt support 
at ceiling 


Tube 
Support, 
■Connect to 
Structure 



■ SECTION A 

N.T.S 



Control JljVte 



J 
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MECHANICAL/ELECTRICAL DATA TABULATION 





Note; TN* slteei must be included in final plan* 












































The attached supplementsIcriteria are required by Genera I Growth Propertiesforthis 
project The c riterion herein isnotintended to contradictanycode requirementsthat 
maygovemthisprojectAnyquestionsconceming the information presented in the 
supplementshould bebroughttotheattentionoftheTenantCoordinatorisattention 
assoonaspossible. 

Itisthe responsibilityoftheTena nt,hisarchitect,engineer5and contiactorto comply 
with the following c riteria. 

American with DisabilitiesActcomplianee 

Tenant's leased premises must comply with title III of the American with 
Disa bilitiesAct (ADA). Complia nee will inc lude, but not limited to, the 
design, construction a nd/ora Iteration of the lease premises Upon 
completion of work, tenantsortenant'sarchitectmustsupplyto landlord a 
letter, satisfactory to land lord, stating thatthe leased premiseshave been 
designed and constructed inaccordanceand are incompliance with the 
ADA. 

Hazardous substance 

It isthe responsibility of the Tena nt a nd the Tena nt'sContractorfs), when 
preparing forand proceeding with construction in the premises to comply 
with a II requirements of a II applicable lawsconceming hazardous 
substa nces The Tena nt sha II not permit the insta llation or use of a ny 
hazardoussubstancesin any component ofthe premisesduring its 
tenancy. 
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